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1. INTRODUCTION 

The increased and widespread use of the distributed harmonic sources in power system is leading to 
quantifying the individual harmonic impacts of the multiple harmonic producing loads. These harmonic 
sources are caused by nonlinear loads that are attached to the power system and are generally undesirable. 
The ability to maintain voltage and current signals with constant amplitude and constant fundamental 
frequency presents the quality of electrical power supplied to the customers. The limitation of harmonics 
pollution present at the point of common coupling (PCC) had been control by IEEE Std. 519 to improve the 
power quality which is widely accepted in industry [1]-[3]. The interaction between harmonic sources and the 
ac power supply can result in above allowable levels of harmonic distortion, overheating of motor and 
transformers, overloading of phase and neutral conductors in branch distribution circuits or interfering the 
operation of sensitive electronic equipment [4], [5]. This poses a potential threat to the regular performance 
of power system. Identifying the source of the harmonic distortion is not simply by just looking at the 
waveforms. Developing an accurate method and technique for identification of harmonic sources is required 
to remove this problem efficiently, especially when there is harmonic problem in a system, and improves the 
power quality management. Several methodologies were proposed over the years for detecting and 
identifying the harmonic source location and contributions [6]. However, the conventional techniques that are 
currently used for power quality monitoring are based on visual of voltage and current waveforms [7], [8]. 
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Signal processing techniques have been widely used for automatic power quality disturbances 
detection and classification [9]. The most widely adopted approach in signal processing is spectral analysis 
using Fourier analysis which is Fourier transform [10]. From the application of Discrete Fourier Transform 
(DFT), it is proposed in [11] a method to extract the amplitude and phase angle of currents but considering on 
the components of odd number only(from the fundamental up to 15" harmonic order). It used models based 
on Artificial Neural Network (ANN) to develop an application for identification of loads present in the 
electrical system using both the amplitude and phase angle of the measured currents. Unfortunately, the 
parameter of the phase angle of the currents can compromise the harmonic source identification as shown by 
[12]. As a result, it is proposed in [13] a research on the method to identify harmonic sources using the 
amplitude of the measured current only. An attribute selector named Wrapper is combined with the DFT of 
current for the data pre-processing step to obtain the most relevant amplitudes of harmonic current orders. So, 
these selected amplitudes of harmonic currents are given as inputs to the intelligent system. Usually the 
selection of attributes by Wrapper provides better results, however, this highly performance comes with a 
high computational cost [14] due to the exhaustive search method. 

In [15], it introduced a user friendly and easy-to-use tool, named “Harmo Sim,” to predict and 
simulate the behavior of nonlinear loads. Users are able to use this tool to do a comparative study of several 
loads on their own data. It used graphical visualization of different parameters such as total harmonic 
distortion (THD), line current, power factor and crest cofactor. However, if the power system contains 
similar type of loads, their current harmonic spectra will be quite similar. Then it will be difficult to predict 
the correct harmonic loads in this cases when considering current harmonics only [16]. Therefore it is not 
always true that current spectra itself can able to identify the load specially the similar type of nonlinear 
loads. Following this context, to overcome this difficulty, the proposed method utilizes the voltage 
measurements in place of current measurement to identify the type of nonlinear load [17]. The voltage 
magnitude method can be used to detect the harmonic source, however the procedure is not practical because 
need to do switching test on the site [18]. In real time, accuracy, quick estimation and low cost are important 
and most of the previous studies do not take into account [19],[20]. Based on above discussion, the limitation 
of previous techniques can be overcome using periodogram. 

This paper proposes high accuracy, fast estimation and costs efficient to identify and diagnose type 
of MHS in the distribution system with single-point measurement at the PCC by utilizing periodogram. The 
periodogram is a method to represent signals in time-frequency representation (TFR). The diagnostic 
analytics of MHS is achieved by analyze the voltage and current signals by using the periodogram. 
Furthermore, harmonic indicies such as instantaneous total harmonic distortion and instantaneous total non- 
harmonic distortion are used to differentiate the harmonic and interharmonic components in the signals. The 
voltage and current signature of each harmonic sources are analyzed by studying the harmonic contribution 
changes. Finally, the distinguishment of MHS can be obtained accurately by using the signature recognition 
pattern that been obtained from the distribution of harmonic and interharmonic components and the harmonic 
contribution changes. 


2. RESEARCH METHOD 

A common type of harmonic producing loads are selected and modelled in Simulink Matlab. 
Furthermore, the diagnostic analytics of HPL signature recognition is performed by utilizing the 
periodogram. 


2.1 Harmonic Producing Load 

A common source of harmonic currents in power systems such as power electronic converters. The 
harmonic-producing load can have fairly consistent harmonic current emission characteristics over time or 
each may present a widely-varying characteristic depending on the control of the device, the characteristics 
of the system, and other variables (IEEE 519-2014). The power electronics equipment, such as three-phase 
rectifiers and three-phase inverter with pulse width modulation (PWM) switching are widely used and lead to 
the disturbances of the utility and the end-user’s equipment [21]-[23]. Thus, in order to identify the root 
cause and to mitigate the harmonic disturbance, diagnostic analytics of harmonic sources is necessary 
to do so. 


2.2 Periodogram 

A harmonic spectrum of non-linear loads power analyser which characterizes the behavior of 
harmonic sources to provide preliminary data on the severity of the distortion problem is widely employed by 
the utilities. The periodogram spectral represents the distribution of power signal over frequency and it is 
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based on a Fourier series model of the data, that is, specifically designed for determining harmonic 
components in power signals [24], [25]. It can be formulated as equation 1. 


T 2 
Sf) = E Srv Oed (1) 


Where, Sv(f) in frequency domain; v(t) is voltage waveform; VDC is direct current voltage and = is 


system frequency. 


2.3 Instantaneous Total Harmonic Distortion 
Total harmonic distortion, THD, is used to measure of how much harmonic content in a waveform 
[26],[27],[8]. The total harmonic distortion of a waveform is defined mathematically as equation 2. 


SH Vh,rms(t)? 
TDG) = LZ m (2) 
Virms(t) 
Where Vr, ms(t) is RMS harmonic voltage and Vp, ms(t) is RMS fundamental voltage. 


2.4 Instantaneous Total Non-Harmonic Distortion 

Besides harmonic, a signal also contains interharmonic components that are not multiple integer of 
the power system frequency [28],[29]. Referring to this as the total nonharmonic distortion, (TnHD), the 
expression in equation 3[30]: 


[ims yi, Vh,rms(t)? 


Virms(t) 


TnHD(t) = (3) 


2.5 Proposed Technique Implementation 

The execution of proposed technique can be realised as depicts in Figure | and Figure 2. Two types 
of common and widely used harmonic sources which are the three-phase rectifier and three-phase inverter 
with pulse width modulation (PWM) switching [31],[32] are used in this research. 

Meanwhile, as shwown in Figure 3, the measurement data are analysed by using periodogram and 
frequency spectrum. Furthermore, the harmonic indices which are instantaneous total harmonic distortion, 
THD(t) and instantaneous total non-harmonic distortion, TnHD(t) are calculated. The contribution changes 
and distribution of harmonic and interharmonic components are obtained from the diagnostic analytic 
process. Finally, the distinguishment of harmonic sources can be obtained by observing the signature 
recognition pattern. 


3-phase 
Inverter 


Figure 1. A rectifier-based load. Figure 2. An inverter-based load. 
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Figure 3. An implementation of harmonic source diagnostic analytics. 


3. RESULTS AND ANALYSIS 
The results of an analysis of harmonic indices, harmonic contribution changes and signature 


recognition pattern of harmonic sources which are rectifier-based load and inverter-based load presented in 
this section. 


3.1 Rectifier-based Load 

In this case study, the signature recognition of rectifier-based load is observed due to perform the 
harmonic source diagnostic. A six-pulses three-phase rectifier with Pulse Width Modulation (PWM) 
switching technique is selected to be the rectifier-based load. The voltage and current signal in time domain 
when this rectifier-based load utilized as the harmonic producing load shown in Figure 4(a). Clearly shown 
that the voltage and current signals are not a pure sinusoidal form. As shown in Figure 4(b), the harmonic 
indices which are THD(t) and TnHD(t) in the range of 1.093% to 1.098% and 1.295% to 1.3%, respectively. 
These harmonic indices show that the voltage signal consist of harmonic and interharmonic components. 
Nevertheless, the harmonic distortion level still in the permitted range of IEEE Standard 519-2014, where the 
total harmonic distortion cannot more than 8%. 

The current spectrum of signal shown in Figure 4(c). Whereas the harmonic current exist at 250Hz, 
900Hz and 1000Hz, respectively. In the meantime, the interharmonic components discovered at 375Hz, 
425Hz, 575Hz, and 675Hz, respectively. As this 6-pulses rectifier, the harmonic order start at 5 while the 3" 
harmonic and below are eliminated. As shown in Figure 4(d), the voltage signal comprising four harmonic 
and two interharmonic components, individually. Next, to have a good understanding of converter-based 
load, a diagnostic analytic of converter-based load is performed and explain in next section. 
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Figure 4. A Frequency Spectrum. a) A instantaneous voltage and current signal, b) THD(t) and TnHD(t) of 
voltage signal, c) Frequency spectrum of harmonic and interharmonic of current signal, d) Frequency 
spectrum of harmonic and interharmonic of voltage signal. 


3.2 Converter-based Load 

This case study seeks to address the signature recognition of inverter-based load and the finding 
should make an important contribution to the harmonic source diagnostic. The three-phase AC-DC-AC 
converter with Pulse Width Modulation (PWM) switching technique was selected to be the inverter-based 
load. Figure 5(a) presents the voltage and current signal in time domain when the three-phase inverter was 
utilized as the harmonic producing load. Furthermore, Figure 5(b) show the harmonic indices which are 
THD(t) and TnHD(t) in the range of 1.465% to 1.475% and 6.01% to 6.05%, respectively. This harmonic 
indices show that the harmonic and interharmonic components are exist in the signal. However, the harmonic 
distortion level still in the permitted range of IEEE Standard 519-2014, where the total harmonic distortion 
cannot more than 8%. 

The spectrum of current drawn by the inverter shown in Figure 5(c). Whereby the harmonic current 
exist at 250Hz, 350Hz, 600Hz, 900Hz and 1000Hz, respectively. Meanwhile, the interharmonic components 
discovered at 575Hz, 675Hz and 875 Hz, respectively. Figure 5(d) shows the frequency spectrum of voltage 
and it was distinguished four harmonic and six interharmonic components in the voltage signal, respectively. 
Previous analysis of harmonic and interharmonic contribution of rectifier-based load is done and further 
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analysis on converter-based load is necessary due to conclude the hypothesis of signature recognition of 
HPL. In addition, no previous research distinguished the HPL based on harmonic and interharmonic 
contribution of voltage and current. 
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Figure 5. AC-DC-AC PWM converter a) A instantaneous voltage and current signal, b) THD(t) and TnHD(t) 
of voltage signal, c) Frequency spectrum of harmonic and interharmonic of current signal, d) Frequency 
spectrum of harmonic and interharmonic of voltage signal. 
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3.3 Voltage and Current Signature Analysis 

Although extensive research has been carried out on harmonic source diagnostic, no single study 
exists which adequately study the relationship of contribution impact of harmonic and interharmonic and the 
HPL that in the power distribution system. The signature analysis of voltage and current is performed due to 
study the impact of the contribution to the system. Furthermore, this analysis enhance our understanding on 
voltage and current signature pattern towards the diagnostic analysis of HPLs. As shown in Figure 6, the 
harmonic contribution changes (HCC) clearly shows that the voltage contribution changes of converter-based 
load are dominant at most of frequencies comparing to the rectifier-based load. Interestingly, at 275Hz, 
300Hz, 350Hz, 675Hz and 1025Hz, only harmonic and interharmonic voltage components of converter- 
based load were exist with 100% rate of HCC. Turning now to the voltage signature of rectifier-based load 
that only has a dominant harmonic component at 700Hz and 900Hz, respectively. Meanwhile at 700Hz, the 
HCC rate was 100%. This paragraph has analysed the voltage signature, while the next paragraph will 
explain the analysis of current signature of HPLs. 


Voltage Signature: Rectifier-based Load versus Converter-based Load 
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Figure 6. Voltage Signature Analysis. 


What follows is an explanation of current signature of rectifier-based load and converter-based load. 
One of the signature component that contribute in the development of HPL’s signature recognition is current 
signature. As shown in Figure 7, the most striking result to emerge from the result is that the HCC s of 
converter-based load have become so dominant. The HCC rate for converter-based load were 100% at 
350Hz, 600Hz and 875Hz. These are: 250Hz, 350Hz, 600Hz, 875Hz, 900Hz and 1000Hz. Comparing the 
current signature of converter-based load, it can be seen that the CCOTs for rectifier-based load with rate of 
100% at 375Hz and 425Hz. In the meantime, it was dominant too at 575Hz and yielded a 58% of HCC. 

A strong relationship of voltage and current signature versus HCC is interesting because this 
significant relationship can be utilized in diagnostic the above said HPLs. In this section, it is explained that 
the HCC for voltage and current signature of converter-based load are so dominant compare to rectifier-based 
load. 


Current Signature: Rectifier-based Load versus Converter-based Load 
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Figure 7. Current Signature Analysis. 
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3.4 Signature Recognition of Harmonic Producing Load 

The results obtained from the preliminary analysis were analyse and the significant recognition of 
harmonic producing load was obtained. With refer to the Figure 7, the distribution of harmonic components 
can be divided into three zones; zone 1 (150Hz to 450Hz), zone 2 (450Hz to 750Hz) and zone 3 (750Hz to 
1050Hz). Furthermore, by tabulating the harmonic and interharmonic components as depicts in Figure 8, the 
most striking result to emerge from the data is in the zone 1 and zone 3, the tabulation of harmonic and 
interharmonic components are higher in these zone. Whereby for inverter-based load, in zone 1, five voltage 
harmonic and 2 currents harmonic components were distinguished. In zone 2, three currents harmonic and 
two voltage harmonic components were distinguished in the signal. Furthermore, in zone 3, three voltage 
harmonic and three current harmonic components were detected in the signal, respectively. In the meantime, 
as shown in Figure 9, the signature recognition of rectifier-based load, each zone consist less harmonic 
components compare to the inverter-based load signature recognition. It can thus be suggested that the 
converter-based load produced more harmonic and interharmonic components at zone | and zone 3 compare 
to rectifier-based load. Thus, the diagnostic of HPLs successfully done by observing the signature recognition 
pattern at zone 1, zone 2 and zone 3. The present results are significant in diagnosing the rectifier-based load 
and converter-based load that connected to the system. 
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Figure 8. Signature Recognition of Converter-based Figure 9. Signature Recognition of Rectifier-Based 
Load. Load 


4. CONCLUSION 

The main concern of this research is to diagnose type of harmonic producing load which are 
connected in the distribution system and acted as harmonic sources by utilizing periodogram technique. The 
main contribution of this research is the signature recognition pattern of harmonic sources that can be used to 
distinguish type of harmonic sources. Two common and widely used of harmonic producing load which are 
three-phase rectifier and three-phase inverter are modelled and chosen in this research. Based on signature 
recoginiton pattern, both types of harmonic producing load can be distinguished plainly by observing the 
zone 1, zone 2 and zone 3. The inverter-based load always has more harmonic components for each zone 
compare to the rectifier-based load type. 

Consequently, considering the explanation, the periodogram technique accurately diagnosed and 
distinguished type of harmonic sources in the power distribution system. 
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